


fNSUUTEO BUSHING 
AT EKD OF CONDUIT 


TENANT «- 
INTERFACE BOX 


FIRESTOP 


1A IN 3/4" GSC. 


CxTs** NEIM 1. RED 

enclosure wmm cat. 

(OAE.) WH DEVICE MOUNTING 
HOFFIMM CAT. fA-6N6P (OAE.) 


{ EXISTING IE NAN? 

I mi ALARM PANEL I 



28 IN 3/4* GSC 
OR FMC CO.NDUIT 

TENANT FIRE ALARM PANEL 
PENETRATION SHALL BE PERFORMED 
UNDER DIRECTION & SUPERVISION 
OF THE ENGINEER. 



LATEO BUSHING 
AT END OF CONDUIT 


SUSPENDED CEILING 


7 


3 1/2* DEEP DOUBLE 
GANG STEEL SWITCK80X 
WITH RED PAINTED 
BLANK SWTCHPLATE. 


£ 


SOLID GYPSUM 
BOARD WALL. 

FINISHED FLOOR 



1A TO TENANT INTERFACE BOX 

1A AND 28 
IN 3/4" FMC. 


PYROTRONICS TRI-86D 
INTERFACE MODULE IN 

er x r x 4* ( red 

PAINTED, ENCLOSURE 


NQTEg: 


1 . FOR LEGEND, ABBREVIATIONS AND GENERAL NOTES, 
SEE DRAWING E-1. 

2. FOR DEVICE WIRING DIAGRAMS SEE DRAWING £-37 


28 IN 3/4" FMC CONDUIT. 


TENANT FIRE ALARM PANEL 
PENETRATION SHALL BE PERFORMED 
UNDER DIRECTION k SUPERVISION 
OF THE ENGINEER. 


TO ATC OR NEXT r 
ADDRESSABLE DEVICE 



DISCONNECT EXISTING CONDUIT AND CABLE 
AND ABANDON IN PLACE. 
TAG ENDS OF CABLE AS "NOT IN USE". 


28 IN 3/4 
GSC OR FMC 


INSTALL 18 IN EXISTING 
3/4" FLEXIBLE CONDUIT 


EXISTING J BOX 



FRONT VIEW 


TAMPER SWITCH 


SIDE VIEW 


FRONT VIEW 



N.T.S. 



FA PANRJ 


N.T.S. 


i 


FIRESTOP 



TERMINATE CONDUIT WITH — 
BUSHING 6T ABOVE CEILING 


GYPSUM BOARD WALL, MARBLE 
FACED COLUMN OR OTHER 
WALL CONSTRUCTION 

FINISHED FLOOR 



FIRE ALARM CABLE TO TSC 
RUN CONCEALED INSIDE 
CEILING SPACE 


EXISTING MAIN — ' 
SPRINKLER UNE 



INSTALL 1B IN EXISTING 
3/4" FLEXIBLE CONDUIT 


WATER FLOW SWITCH 


CEILING 


SPRINKLER 


TAMPER SWITCH 


& FLOW SWITCH INTERFACE CONNECTION 


FIRE ALARM CABLE IN 3/4"* GSC 


CLAMP 


SURFACE MOUNTED 
DEVICE ENCLOSURE 


% * 


CONCRETE SLAB ABOVE CONCOURSE CEILING 


CONCRETE ANCHOR 
ROD HANGER TYPE 
TYPICAL 


4*-0 0 


FINISHED FLOOR 



TATION 


JACK 



& S TANDPIPE TELEPHONE JACK 


N.T.3. 


N.T.S. 


EXPANSION BOLT. 


f EXISTING SLAB OR BUILDING STEEL. 


3/1 r CHANNEL ANGLE 
CONNECTOR. KINDORF CAT. 
| J -844 (OAE.). 

1 1/2" x 3/4" SLOTTED 
CHANNEL, KINOORF CAT. 
#J-864 (CAE.). 

CABLE BOX CONNECTOR. 


SEE NOTE 2. 



DRILL 3/1 6T HOLES 1" DEEP FOR 
CONCRETE INSERTS OR EXPANSION 
SLEEVE AND USE #10 SHEET METAL 
WITH WASHER. 

EXISTING SLAB, 


OCTAGONAL 2 1/8" 
DEEP STEEL BOX 
RACO CAT #175 (OAE). 

1A, CLAMPED TO CEILING 
STRUCTURE (TYPICAL). 


SUSPENDEO/GYPSUM 

BOARD CEILING. 


OPEN AREA SMOKE 
DETECTOR. 



1A IN 3/4" GSC. 

4" OCTAGONAL 2 1/8" 
DEEP STEEL SOX 
RACO CAT #175 (OAE). 



1/2" THREADED ROD 
LENGTH VARIES TO SUIT 
FIELD CONDITION 


3/4" STRAIN RELIEF 
CONNECTOR. T k B 
CAT. | 2674 (OAE.) 
(TYPICAL) 


B LINE B22TH 
CHANNEL (O.A.E.) 


8" x 8"x a" BOX 
WITH SCREW COVER 
AND PAINTED RED 
(TYPICAL) 


CONCOURSE TENANT 
GROUP "A" 
SPEAKER AND STROBE 
INTERFACE BOX 


CONCOURSE TENANT 


GROUP "BT SPEAKER 
AND ALD LOOP 
INTERFACE BOX 


UNIVERSAL MOUNTING BASE. 
SEE NOTE 2. 


TERMINAL BLOCKS 
BUCHANAN #515.525 
WITH END SECTIONS 
BUCHANAN #530 
MOUNT INSIDE FACE 
OF COVER (TYPICAL) 



TYPICAL SMOKE 


N.T.S. 



TENANT INTERFACE BOXES SHALL BE LOCATED BY THE CONTRACTOR ABOVE THE HUNG CEILING, IN THE GENERAL LOCATION 

CONTACTOR SHALL CHOOSE THE EXACT LOCATION TO AVOID INTERFERENCE Wl 
EXISTING FACILITIES AND THE NEW WORK OF OTHER TRADES IN THE AREA WHERE TENANT INTERFACE BOXES ARE LOCATED 
ABOVE GWB CEIUNGS. THE CONTRACTOR SHALL PROVIDE ACCESS HATCHES FOR MAINTENANCE PURPOSES 


TYPICAL TENANT INTERFACE SOX INSTALLATION DETAIL 


N.T.S. 



N.T.S. 
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